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One 10 ft. by 10 ft. Kinner steel rolling door. Eleven 14-ft. 10-in. lintels built up of 8-in. channels. Two 13-ft. 4-in. lintels built up of 8-in. channels. Two 11-ft. 6-in. lintels built up of 8-in. channels. One 10-ft. 4-in. lintels built up of 8-in channels. One 11-ft. 6-in. lintels built up of 8-in. channels. 850 lights 14 in. by 20 in., i in. factory ribbed glass, 164 lights 13i in. by 19i in. factory ribbed glass. 82 lights 14 in. by 19| in. factory ribbed glass. 44 lights 13J in. by 20 in. factory ribbed glass.
Steel windows and door frames for above made of two 3i by 2i by i angles. (See Fig. 106.)
Account 8703.11—Concrete Sills.
This account covers the labor and material used to make the following list of concrete sills. The sills were made 3 parts sand and gravel to 1 cement, cast in collapsible moulds and later finished. Three f-in. rods are used in each sill.
11 sills, 81 in. by 10 in., 14 ft. 10 in. long. 1 sill,  81 in. by 10 in., 11 ft.   6 in. long.
1 sill,   81 in. by 10 in.,   8 ft.   6 in. long.
2 sills, 81 in. by 10 in., 12 ft.   2 in. long. (See Fig. 21.)
Account 8703.2—Tile Walls.
This cost includes the cost of tile, mortar and scaffolds, together with the mason and carpenter labor used to build the walls. The walls were non-bearing 8 in. thick, built of hollow tile, laid in between the steel building columns. The mortar used was 1 cement, 1 lime and 1 sand.
Account 8703.21—Unloading Tile.
This covers the cost of preparing site, unloading, and checking quantity of tile.
Account 8703.22—Coping.
This covers the cost of labor and material incident to coping the walls at the top, beneath the roof. A two by four was bolted to the top course of tile and another to the underside of the roof. These were lathed across with metal lath and plastered with cement mortar. (See Fig. 17.)
Account 8703.30—Roof.
This account covers the cost of the material and labor incident to roofing the boiler and blacksmith shop. Oregon pine sheathing, 2 by 8, surfaced, tongued and grooved, was nailed to strips bolted to the purlins. Over this 3-ply asbestos roofing paper was laid. (See Fig. 17.)
Account 8703.31—Ventilators.
This covers the cost of labor and material incident to installing three 48-in. Burt ventilators on the peak of the boiler and blacksmith shop roof.t.Kinnor steel rolling door.of 100 tons per hour.    It takes oro from convoy or 10- beneath
